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EXIST, 5000A. COLLECTOR 
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TEMPORARY BUSWAY 



OfSCONNECT 
A REUOVE 
EMSTWC , 
COLLECTOR * 
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REMOVE EXIST. 2500A. (AL) 
& INSTALL 4000A (CU.) 
BUSWAY CONNECT TO EXIST. 
COLLECTOR BUSWAY 


42nd FL 


EXIST. BUS TRANSITION BOX 
REMOVE EXIST. COVERS FOR 
ACCESS TO BUS VTA TEMP. 
BUS TRANSITION BOX 


EXIST. BUS 


EXISr. 1500 KVA 
TRANSFORMER 
41tt FL. 



42nd FL 


OPENING TO EXIST. 
TRANSITION BOX 


EXIST. 1500 KVA 
TRANSFORMER 

41»t FL 



SECTION D-D 


TEMPORARY CONNECTION 
AT COLLECTOR BUSWAY 


SECTION d-d 
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42nd FL 
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SECTION A-A 
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-EXIST'G 500 KVA 
PRIMARY DISCONNECT 
SWITCH (L-1) 

(L-1) 


42nd FL 



SECTION C-C 


CAP ALL BUSWAY RUNS 
WTTHIN 5' OF CENTER LINE 
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TOWER ONE AND TWO I 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 


ELECTRICAL 

SUBSTATION SS-41N 
STAGE IE AND HI 
SWITCHGEAR EQUIPMENT 
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